CUT FOJL SHIELD 

FLUSH WITH END OF OUTER JACKET 


EXSTING 2Cfx20*x6" HEMA t ENCLOSURE 
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COHOUCTOR J ,MSUWTCD 
DRAIN - UNINSULATED 


1. FOR LEGEND. ABBREVIATIONS * GENERAL NOTES, SEE \ 

2. ALL SHIELDS SHALL BE ISOLATED FROM GROUNO. 
APPROVEO "SHRINK* TUBING SHALL BE USED ON ALL 
DRAIN CONDUCTORS. SEE DETAIL "A* (ON THIS DWG). 

3. FOR NTC-I ENCLOSURE LOCATION, SEE DWG E-5. 


21UP5 


210N5 


"SHRINK TU8F -CLEAR 
SINGLE WIRE 


I * «*) 2 


#1+ AWC CONDUCTORS AND DRAINS 

21 - INDICATES PAIR NUMBER 

S - INDICATES SPARE PAIR 

UP - INDICATES WIRE RUN TO UPPER FLOOR 

DN - INDICATES WIRE RUN TO LOWER FLOOR 

5 — INDICATES TERMINAL BLOCK NUMBER 

TB2 - TERMINAL BLOCK #2 
(+) INOtCATES POSITIVE POLARITY 
(-) WDtCATES NEGATIVE POLARTTY 
(R) INDICATES RED WIRE 

(B) INDICATES BLACK WIRE 

(S) INDICATES SHIELD/DRAIN WIRE 
2 INDICATES TERMINAL BLOCK POINT NUMBER 


2-14/2 SHIELDED TEFLON 




PAIR #'S 18(UP ft DN) 


1-14/2 SHIELDED TEFLON 
CABLES PAIR # 3,(UP) 


6-14/2 SHIELDED 

TEFLON CABLES PAIR 
#> 17.18,19, (UP*ON) 
TO NTC-12, VIA 
CONDUIT "C2" 


BRADY LABEL (OAE.) 

#7903-502-281 

OYPICAL) 


TERMINAL BLOCKS 

BUCHANAN #515.525 
(OAE.) WITH END SECTIONS 
BUCHANAN #530 (OAE.) 
(TYPICAL) 



TB1 


1DN1 


^2DN6 
/30N7 


/30N8 


/ 3DN9 
/ 4DN10 


^ 40N11 
^ 40N12 
^SDNIS 


^50N14 
^SDNIS 


^ jiDNI? 
^DNIB 


1DN2 


1DN3 


^7DN.19 
/ 7DN20 

/ 


■* 

4 

4 

~ (8) 

2 

S 

3 

+ (R) 


4 

- (B) 


5 

S 

6 

+ (R) 

7 

- (8) 

8 

S 

9 

+ (R) 

10 

- (8) 

11 

S 

12 

+ (R) 

13 

- (B) 

14 

S 

15 

+ (R) 

16 

- <B) 

17 

S 

18 

S 

19 

+ (R) 

20 

- (8) 

21 

S 

22 

23 

24 

25 


26 

27 

-28 


29 

30 

31 

32 

33 

34 

35 

35 


1DN1 / 
1DN2 / 
10N3 / 


3DN7 ✓ 
30N8 / 
3DN9 . 


7-14/2 SHIELDED TEFLON 
CABLES PAIR fS 3,14,15, 
16. (UP) & 18. (UP tt DN) 
TO MXLRV TRANSPONDER 


■5-14/2 EXIST. SHIELDED 


2-14/2 EXIST. SHIELDED 
TEFLON CABLES PAIR 
i's 12,13, <t)H\ 
TO MXLRV TRANSPONDER 


TB2 


1UP1 


1UP2 


1UP3 


\3UP7 


\3UP8 


X3UP5 


80N22 


1-14 AWG FEP — ' 

CONDUCTOR 

(TYPICAL) 


6DN23 
/ 80N24 


40N25 
4DN26 


4dN27 
/ 100N28 


4oDN29 
4DDN30 


NETWORK 
CIRCUITS 


4lDN31 
41DN32 


^1DN33 
/ 


+ (R) 

1 

- (8) 

2 

S 

3 

+ (R) 

4 

- (8) 

5 

S 

6 

+ (R) 

7 

- (8) 

8 

S 

9 

+ (R) 

10 

- (8) 

11 

S 

12 

+ (R) 

13 

- (8) 

14 

s 

15 

+ (R) 

16 

- (8) 

17 . 

s 

18 

19 

2p 

21 

+ (R) 

22 

- (8) 

23 

s 

24 

+ (R) 

25 

-(B) 

26 

s 

27 

+ (R) 

28 

- (8) 

29 

s 

30 

+ (R) 

31 

-(B) 

32 

s 

33 

34 

35 


36 


NETWORK 
CIRCUITS 


MM 

(EXISTING) 



-7-U/2 SHIELDED TEFLON 
CABLES PAJR Jf'S 14,15,16, 
1,3, (UP & DN) 


14-14/2 SHIELDED 
TEFLON CABLES PAIR 

3e ON) PLUS SPARES 
TO NTC-X6. VIA 

coNourr "a". 


16-14/2 SHIELDED TEFLON CABLES 

EXISTING NETWORK "A* RISER UP 

TO 1st aOOR TO NTC-H AT HEADEND. 


16-14/2 SHIELOEO TEFLON CABLES 
EXISTING NETWORK "A* RISER DOWN 
TO 82 LEVEL TO NTC-F. 


THESE PAIRS MOVED BY THIS 
CONTRACTOR FROM MXLRV. 


8RA0Y LABEL (OAE.) 
IWML-205-292-1 
(TYPICAL) 


THESE PAIRS MOVED BY THIS 
CONTRACTOR FROM TB2 


THESE PAIRS MOVED BY WIS 
CONTRACTOR TO TB3 


B1 LEVEL 


I HEREBY CERTIFY THAT THtS IS A TRUE AND 
CORRECT COPY OF ONE OF THE CONTRACT 
0RAW1NGS <K>NSTmjTING A PART OF 

contract no. \MKrS^rB1\ m 

THE FORM IN WHICH SAID DRAWINGS 
EXISTED AT THE TIME THE SAID CONTRACT 
WAS EXECUTED BY THE PARTIES- 
DATE 


DATE 
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PROGRAM MANAGER 



ELECTRICAL £KQN 


No. Dot* Revision v-pp'ovee 

ElksMBERlNG DEPARTMENT 


W3R.D 


TRACE 


CENTER 


I ! 


ELECTRICAL 


Title 


FIRE ALARM SYSTEM 

PHASE III 
5 WTC MER'S, EMR'S 
AND SUBSTATIONS 


NTC- 
BLOCK WIRING 
DIAGRAM 


•escnec to ?on Authority cnt rrcy t*o\ \ 
w^tboct i& *iii;tn corsen:, ' 
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